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ABSTRACT 

Passive solar energy is presented as an alternative to 
conventional space heating for existing and future govern- 
ment family housing units. The extent of the current energy 
problem is presented together with the implications of the 
Fimdings of the Workshop on Alternative Energy Strategies. 
These findings significantly influence the impending energy 
problems facing the Department of Defense. A technical anal- 
ysis is made of five passive solar Space-heating design alt- 
ernatives in five climate zones within the continental United 
States to determine the potential savings in conventional 
heating fuel and dollars to the Department of Defense. In 
addition, major advantages and disadvantages of solar energy 
are presented. Recommendations for the utilization of passive 


solar energy in family housing units conclude the thesis. 
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fo een RODUCTION 


A. BACKGROUND 

mews difficult today €oO pick up a newspaper or a maga~ 
Zine that does not include an article on the subject of 
solar energy. Articles generally present solar energy ina 
very positive manner, often with demonstrations of technical 
applications. The articles seem to indicate that a commer- 
Cial solar industry is beginning to emerge. 

Solar energy systems, as applied to the space heating 
of buildings, use the ability of the sun through active or 
passive methods, to provide useful heat to an interior 
living space. The solar space-heating systems used to accom- 
plish this can generally be divided into two subsystems; 
active and passive. In an active system, the collection, 
storage and distribution of usable heat is accomplished by 
means of collectors, pumps, pipes and valves, and other 
complex mechanical devices. Active systems also use secon- 
dary energy sources such as electricity in order to operate. 
In comparison, passive solar-heating systems require no 
mechanical devices or secondary energy sources. The building 
itself provides these functions; windows collect the heat, 
the building itself stores the heat, and the natural laws of 
heat movement distribute the heat [Ref. 1]. (See Figure 


1s, ) 
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A spectrum of active solar energy systems, ranging from 
solar voltaic cells to large scale steam generation plants 
(such as the Southern California Edison plant near Barstow, 
California) are under development. Unfortunately, these new 
sOlar energy systems are only in the early design stages and 
require a level of technology for economic operation that is 
not yet available. At present, new active solar systems are 
complex and their cost is too high to compete with conven- 
tional systems for mass installations and use [Ref. 2]. 

There are, however, currently available methods of 
harnessing the sun's energy to heat and cool buildings. 

With the solar space-heating technology that is now avail-~ 
able, coupled with present-day building materials and 
production capabilities, it is possible to design, fabricate 
and construct buildings that require significantly reduced 
amounts of conventional fuels. Solar energy techniques 
provide ready means of reducing conventional consumption of 
residential heating fuels. 

The literature on solar energy seems to imply that active 
sOlar space-heating systems are too expensive and years away 
from economical utilization. Active solar space-heating 
systems designed for residential use are not cost effective 
because of their required size. This situation is a result 
of an attempt to heat thermally inefficient structures to a 


comfortable interior temperature. If a structure were made 


:3 





thermally efficient by means of passive solar techniques, 

then the active systems employed could be dramatically reduced 
in size, and therefore in cost, making them more economically 
attractive. The active energy systems currently under devel- 
opment offer high potentials for alleviating the probable 
energy crisis for the next decade [Ref. 3]. They will have an 
even greater effect, if the buildings they are intended to 
heat and cocl are made more efficient by uSing existing and 


economical passive solar technology. 


B. THE NEED FOR GREATER SOLAR ENERGY UTILIZATION 

The Federal Government owns approximately 3.1 billion 
square feet of floor space in more than 490,000 buildings 
world wide. Within the Federal Government, the Department 
of Defense is the largest building owner with 395,000 
buildings, totaling more than 2.4 billion square feet of 
floor space [Ref. 4]. The Department of Defense is also the 
largest single petroleum user in the United States. In 
fiscal year 1978, the Department consumed 170 million barrels 
of petroleum products within the continental United States, 
Or approximately 2.5 percent of tne total National consump- 
tion. Petroleum products represent two-thirds of the Defense 
Department's total energy consumption [Ref.5]. Of the Depart- 
ment's total petroleum usage, aircraft operations accounted 
for 66 percent, ship operations 15 percent, ground operations 
8 percent and installation support 1l percent. (See Figure 


1-2.) The installation support category, comprised primarily 
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FIGURE 1-2 Department of Defense petroleum 


usage by operation 





Pamourlcings and facilities, ancludes all fuel usage not 
directly related to operational equipment. The category 
includes family housing units owned and operated by the 
Federal Government. 

The Department of Defense manages approximately 263,000 
family housing units within the continental United States 
which consume in excess of 40 percent of the estimated space 
heating and domestic hot water heating requirements within 
the Department of Defense [Ref. 6]. Family housing units 
therefore account for approximately 3 percent of the total 
energy consumed by the Department of Defense, or approximately 
5 million barrels. This amounted to approximately $110 
million dollars in 1975, the designated base year for energy 
management in the Federal Government. This figure is pro- 
jected to increase to over $173 million dollars in 1985, a 
57 percent increase in 10 years, a figure obtained from the 
data presented in Figure 1-3. 

The proposition of this study is that, if the Department 
of Defense were to begin to apply proven passive solar 
energy techniques to its family housing units, extensive 
Savings in fuel and overall energy costs would ensue. 

Sel MPLICATIONS OF ENERGY SCARCITY TO THE DEPARTMENT 

OF DEFENSE 

The Department of Defense is faced with the problem of 
finite quantities of fossil heating fuels, coupled with the 


rapidly increasing prices of these heating fuels (see Figure 





i-3), and the steady reductions of supply and production. 
Because of these problems, the Department of Defense must 
eventually develop alternative methods of heating its family 
housing units sc that the fuel that can be saved may be used 
to extend the operational life of the petroleum-powered 
Poaipment Currently in inventory, and to mimimize the United 
States' dependence on imported energy. 

The Department of Defense is responsible for providing 
the military force needed to deter war and to protect the 
security of the United States and its military allies [Ref. 
4]. 

The Department's ability to defend the United States is 
dependent on energy. Every warfare system employed by the 
Department of Defense uses energy, and the majority are 
Fueled by petroleum, the most critical fuel. "The most 
immediate military concern clearly is the assured flow of 
energy, particularly petroleum products, to the armed serv- 
ices. The United States must not be caught short in an emer- 
gency, unable to fulfill its worldwide mission. Combat 
readiness is an eluSive abstraction interwoven with continu- 
Smee training. Without training, a combat unit gradually 
loses proficiency, as experienced service people are replaced 
with recruits and moderately trained personnel. Training as 
a team is mandatory, as this is how the military fights. 
such training demands high energy outlays. This means flying 


planes, driving tanks, and steaming ships" [Ref. 5]. 
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Energy can always be saved, for example, by stopping 
operations. If the fleets are anchored and aircraft grounded, 
their effectiveness, purchased and maintained at great cost, 
is lost. Therefore, reducing energy consumption must be 
accomplished without reducing the readiness and cost effec- 
tiveness of the Department of Defense. 

Because oil has been employed as a political weapon 
against the United States by the Middle East Nations, a type 
of warfare sure to continue, this nation should strive for 
energy independence of foreign energy sources. The politi-~ 
cal and military implications of an extremely heavy depend- 
ency on imported oil and gas cannot be ignored [Ref. 1]. 

As the price of fossil fuels rises and the finiteness of 
the resource is realized, the Department of Defense may, in 
times of national emergency, be forced to restrict or pro- 
hibit certain energy uses. This prohibition or restriction 
wouldbe reminiscent of the situations experienced during World 
War Ii. The benefits to the Department of Defense of employ- 
ing passive solar space-heating techniques in family housing 
units within the continental United States, would be: to 
minimize the impact of a military energy crisis, to reduce 
Overall energy costs, and to extend the operational life of 
the petroleum-powered weapons systems currently in the Depart- 


ment of Defense inventories [Ref. 5]. 
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eee OBJECTIVE 

The objective of this thesis is to determine if the use 
of passive solar techniques in government family housing 
units throughout the continental United States can substanti- 
ally reduce the costs and fossil fuels required for conven- 


tional space heating. 


eee METHOD 

A literature search was undertaken on the subjects of: 
solar energy, passive solar technology, and alternative 
energy sources. Agencies and organizations that were reviewed 
and provided information include; the Department of Defense, 
the Department of Energy, the National Aeronautics and Space 
Administration, and the Department of the Navy. Individual 
publications that were particularly noteworthy in helping to 
formulate the passive solar alternatives were; The Passive 
Solar Book, Expanded Professional Edition, by Edward Mazria; 
Energy Global Prospects 1985-2000, a report by the Workshop 
on Alternative Energy Strategies, and All Through the House, 
A Guide to Home Weatherization, by Thomas Blandy and Denis 
Lamoureux. 

The literature reviewed indicated a lack of scientific 
data on passive solar techniques. Of particular concern was 
the absence of large scale passive feasibility studies. 
Additionally, it was extremely difficult to obtain accurate 
energy-use data from the Federal Government. A report from 


the Department of Energy addressed the subject. "Repeated 
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attempts were made during the preparation of this report to 
arrive at reasonable estimates of average annual energy-use 
per square foot for the 18 major energy-using agencies. The 
magnitude of the data problem was so great that each attempt 
failed to yield a set of numbers in which confidence could 
be placed" [{Ref. 4]. 

To determine the potential savings of fuel (and therefore 
dollars) to the Department of Defense for using passive solar 
energy as a viable alternative to conventional space-heating 
systems, five passive space-heating alternatives were formu- 
lated and analyzed, a heat gain/heat loss analysis was used 
to determine how much solar energy was available from the 
five passive solar space-heating design alternatives in five 
climate zones within the continental United States. The 
analysis was conducted by means of a hypothetical single 
family unit reflecting median characteristics of family 
housing units located within the continental United States. 
The evaluation of the passive solar potential for each alter- 
native was determined by heat loss/heat gain comparisons at 
an interior temperature of 65°F. Based on heat loss/heat 
Gain figures and life cycle cost calculations, conclusions 


and recommendations were formulated. 


F. THESIS ORGANIZATION 

Chapter I introduces the reader to the problem of energy 
consumption and costs faced by the Department of Defense in 
heating family housing units within the continental United 


States. 
Zu 





Chapter II discusses the current energy outlook and the 
mmeliecations of the findings of the Workshop on Alternative 
Energy Strategies as they pertain to the impending energy 
problem facing the Department of Defense. 

Chapter III discusses the principles of passive design 
and presents brief definitions of heat transfer techniques 
within a paSSive solar design. Essential features and ele- 
ments of passive design are discussed. 

Chapter IV looks at five passive solar space-heating 
alternatives and analyzes them for their passive solar poten- 
tials in five climate zones within the continental United 
States. A hypothetical single-family unit, reflecting 
median characteristics of family housing units within the 
continental United States, is used in the analysis. The 
evaluation of the solar heating potential of each alternative 
is determined by heat loss/heat gain and life cycle cost 
evaluations. 

Chapter V presents a number of significant advantages 
and disadvantages of solar energy to the Department of Defense. 

Chapter VI summarizes the major conclusions reached in 
this thesis and concludes with recommendations for the utili- 


zation of passive solar energy in family housing units. 
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Pi. ee tere OUTLOOK 


A. GENERAL 

This chapter presents an overview of the state of the 
current energy availability situation faced by the Depart- 
ment of Defense. Several viewpoints on the availability of 
fossil fuels for the next century are presented from private 
and public sources. They circumscribe some of the problems 
that the Department of Defense may face unless alternate 
energy sources are identified. 

The successful utiiization of energy has been an essen- 
tial component of man's ability to survive and develop 
socially. A characteristic energy statistic about the 
United States is that with slightly over 6 percent of the 
world's populaticn, the United States consumes nearly 33 per- 
cent of the world's total energy output [Ref. 7]. Because 
of this fact it is time to evaluate the United States’ 
prodigal use of energy and its pervasive role in our society. 
Two major factors dictate the pervasion of energy: (1) the 
availability of sufficient resources and (2) the technology 
to convert the resources to useful heat and work. The fact 
that fossil fuels are finite was always known, but the world 
Delieved them to be virtually inexhaustible. The United 
States has recently been dramatically reminded of the fact 


that, as a result of the 1973 oil embargo, not only are the 
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reserves of fossil fuels (oil, coal, natural gas) finite, 
but the era of low cost, easily obtainable fossil fuels has 
ended. 

The dramatic growth since World War II in the rate of 
consumption of these fossil fuels both in the United States 
and throughout the world is a cause for alarm. 

Since World War II the United States, specifically the 
Department of Defense, has had the ability to shift or 
reallocate energy reserves whenever the need arose, particu- 
larly when National defense was an issue [Ref. 5]. But the 
ability to shift energy reserves may not be available in the 
future if the predictions and outlooks for the exhaustion of 
fossil fuels are realized. 

Information obtained from a report by the Exxon Corpora- 
tion indicated that for consumers, energy in the future will 
cost a good deal more than it has historically. Even the 
discovery and development of remaining conventional oii 
reserves will incur much higher costs. Compared to the past, 
future oil discoveries are likely to be smaller, at greater 
depths, in more physically hostile environments, and at 
locations more remote from markets. 

World energy demand, currently about 100 million barrels 
of oil equivalent per day, is expected to grow at a rate of 
2-1/2 percent per year from 1978 to the year 2000, compared 


with the 5-1/2 percent per year increase from 1965-1978. 
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This slower rate is associated with slower economic growth 
and less energy intensity. Nonetheless, world energy demands 
are projected to reach 130 million barrels of oil equivalent 
per day, by the year 1990 and to exceed 160 million barrels 
per day by the year 2000. This represents an increase over 
the 1978 levels of about one-third by 1990 and two-thirds 

by 2000 [Ref. 8]. 

Crude oil is projected to remain the largest single 
source of supply for meeting world energy demand. Over the 
period to the year 2000 its availébility will necessarily 
depend on the rate of discovery of new reserves. Since 1930, 
Oil discovery rates have ranged from less than 10 to more 
Maem 25 billion barrels per year. Prior to 1970, discovery 
rates were well in excess of production, so the world's 
inventory of discovered reserves was increasing. Since the 
early 1970's, a decline in oil discoveries and a continuing 
rise in oil consumption have reversed this situation. Asa 
result, the inventory of discovered reserves has now begun 
to decline. This pattern is expected to continue, despite 
a projected growth rate for oil consumption of less than one 
percent per year and assumed aggressive efforts to accelerate 
discoveries. 

The world's remaining conventional oil resources are 
assessed to be in the range of 1 to 1-1/2 trillion barrels. 


This number includes oil which has yet to be discovered. 
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Consequently, even with a very active exploration effort, 
the average discovery rate for the period of 1978 to 2000 is 
likely to be well below the expected production rate of 
about 20 billion barrels per year. The unavoidable result 
will be a further decline in the world's inventory of dis- 
covered reserves. Production cannot continue growing under 
these circumstances, and it is reasonable to expect it to 
level off slightly above 20 billion barrels per day around 
the turn of the century [Ref. 8]. 

Figure 2-1 contrasts the relative amounts of various 
energy sources currently known to be available and economic- 
ally recoverable with existing technology, with the consump- 
tion pattern of those energy sources. With the exception of 
coal, the United States consumes a Significantly larger per- 
centage of a particular energy source than the percent of 
that energy source that is known to exist as a proven 
reserve. 

George Marienthal, Deputy Assistant Secretary of Defense 
for Energy, Environment and Safety, provides a sobering 
scenario of the future if present energy consumption trends 
are not controlled and substantially modified. 

“The end of oil will not, of course, come with a 
bang. It will be more like the Chinese water torture 
than the guillotine. With every passing year there 
will be less oil available for the consumer. Prices 
will rise inexorably. Everything which is tied to 
energy will increase in cost as the cost of energy 
Climbs. In a modern industrial society it is hard to 


imagine many goods or services which are not inextri- 
cably linked to energy. The poor will be the first 
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Menected. Poor nations, with low foreign exchange 
reserves but a desperate need for capital, will be 
forced to revert to a pre-industrial society. Poor 
people in the developed nations will find it impossi- 
ble to afford to drive a car, heat their homes com- 
fortably in winter, or cool them in summer. As the 
situation worsens, small business will fail, large 
industries with high energy needs will be hard 

pressed to stay solvent, suburbs which are not 

served by mass transit will wither, cities will become 
much more crowded and recreation which is energy inten- 
Sive will disappear for all but the super rich" [Ref. 5]. 


B. CONCLUSIONS FROM THE WORKSHOP ON ALTERNATIVE 

BNERGY STRATEGIES 

Countless energy scenarios, charts and computer models 
have been developed during the past decade that estimate 
the amounts and availability of fossil fuels now and in the 
future. 

Of the reports that were evaluated by the author, the 
report of the Workshop on Alternative Energy Strategies, a 
project sponsored by the Massachusetts Institute of Tech- 
nology, titled Energy: Global Prospects 1985-2000 was the 
most complete and explicit. The following are some of the 
conclusions from that study, which may significantly affect 
the way energy is utilized by the Department of Defense in 
the next decade. 

“After two years of study we concluded that world 
Oil production is likely to level off--perhaps as 
early as 1985--and that alternative fuels will have 
to meet growing energy demand. Large investments and 
long lead times are required to produce these fuels 
on a scale large enough to fill the prospective 


shortages of oil, the fuel that now furnishes most of 
the worlds' energy. The task of the world will be to 





manage a transition from dependence on oil to greater 
reliance on other fossil fuels, nuclear energy and, 
later, renewable energy systems. Our major conclusions 
are as follows: 


(1) The supply of oil will fail to meet increasing 
demand before the year 2000, most probably between 1985 
and 1995, even if energy prices rise 50% above current 
levels in real terms. Additional constraints on oil 
production will hasten this shortage, thereby reducing 
the time available for action on alternatives. 


(2) Demand for energy will continue to grow even 
if governments adopt vigorous policies to conserve 
energy. This growth must increasingly be satisfied by 
energy resources other than oil, which will be progres- 
Sively reserved for uses that only oil can satisfy. 


(3) The continued growth of energy demand requires 
that energy resources be developed with the utmost 
vigor. The change from a world economy dominated by 
oil must start now. The alternatives require 5 to 15 
years to develop, and the need for replacement fuels 
will increase rapidly as the last decade of the century 
1S approached. 


(4) Electricity from nuclear power is capable of 
making an important contribution to the global energy 
supply although worldwide acceptance of it on a suffici- 
ently large scale has yet to be established. Fusion 
power will not be significant before the year 2000. 


(5) Coal has the potential to contribute substanti- 
ally to future energy supplies. Coal reserves are 
abundant, but taking advantage of them requires an active 
program of development by both producers and consumers. 


(6) Natural gas reserves are large enough to meet 
projected demand provided the incentives are sufficient 
to encourage the development of extensive and costly 
intercontinental gas transportation systems. 


(7) Although the resources base of other fossil 
fuels such as oil sands, heavy oil, and oil shale is 
very large, they are likely to supply only small amounts 
of energy before the year 2000. 
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(8) Other than hydroelectric power, renewable 
resources or energy--e.g., solar, wind power, wave 
power--are unlikely to contribute significant quanti- 
ties of additional eneray during this century at the 
global level, although they could be of importance in 
particular areas. They are likely to become increas- 
ingly important in the 2lst century. 


(9) Energy efficiency improvements, beyond the 
Substantial energy conservation assumptions already 
built into our analysis, can further reduce energy 
demand and narrow the prospective gaps between energy 
demand and supply. Policies for achieving energy 
conservation should continue to be elements of all 
future energy strategies. 


(10) The critical interdependence of nations in 
the energy field requires an unprecedented degree of 
international collaboration in the future. In addi- 
tion, it requires the will to mobilize finance, labor, 
research and ingenuity with a common purpose never 
before attained in time of peace; and it requires it 
now. 


Failure to recognize the importance and validity 
of these findings and to take appropriate and timely 
action will almost certainly result in a world differ- 
ent from the one which these projections have been 
based. Failure to act could lead to substantially 
higher energy prices as the supply/demand imbalance 
becomes more apparent--with the depressant side 
effects on the economies of the world and consequent 
Frustration of the aspirations of the less deveioped 
countries. The major political and social difficulties 
that might arise could cause energy to become a focus 
meeecOnfrontation and conflict. 


In addition, the longer the world delays facing 
the issue, the more serious the outcome will be. Even 
with prompt action the margin between success and 
Failure in the 1985-2000 period is slim. Time has 
become one of the most precious of our resources. 
Recognizing the importance of time and the need to 
respond can help us through the period of transition 
that lies ahead" [Ref. 3]. 


A report published by Tetra Tech. Inc. projected 
figures for the exhaustion dates of fossil fuels that do not 


Share the same optimistic outlooks for petroleum resources. 
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"Theoretical world oil exhaustion dates are calculated 
for the resources boundaries as a proxy for depletion 
dates. The ultimate depletion date is when the amount of 
available resource falls below that required to maintain 
current consumption patterns. Specifically, depletion 
dates (or transition periods) are determined by world oil 
BEeauction, consumption, and pricing policies, and by 
ultimately discovered recoverable resources. The calcu- 
lation assumes that sufficient oil is produced and avail- 
able to meet the demand. In actual practice, production 
will decline as the reserves are used, thereby delaying 
the actual exhaustion date by creating a supply shortfall 
(that 1s, depletion). Calculating theoretical exhaustion 
Gates indicates the length of time until oil supplies 
are exhausted. 


Three alternative oil consumptions growth rates are 
used to project world exhaustion dates. If the conserva- 
tive 2.5 percent annual consumption growth rate is 
assumed, the entire estimated range of recoverable 
resources would be exhausted between 2017 and 2025. 

Using the historical growth rate of 7 percent, exhaustion 
would occur sometime between 2003 and 2007. In the 
unrealistic and optimistic case of no increase in consump- 
tion, exhaustion would occur by 2070" [Ref. 1]. (See 
Figure 2-2.) 


From the literature reviewed, and the energy outlooks 


presented, it can be concluded that fossil fuels are rapidly 


being depleted. Unless this rate of depletion is slowed, 


the exhaustion of ultimately recoverable petroleum resources 


May Occur as early as the year 2000. 


A review of current newspaper articles suggests that the 


United States is currently experiencing the beginnings of 


the major predictions that the Workshop on Alternative Energy 


Strategies presented. 
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men ENERGY SOURCE ALTERNATIVES — 

The United States now imports approximately 7 million 
barrels of oil daily, compared with the total daily consump- 
tion of 17 million barrels. This means that the United 
States will remain dangerously vulnerable to a cutoff of oil 
imports during the next ten years. Currently the United 
States has 91 million barrels of oil stockpiled in huge salt 
domes located along the Gulf coast of Texas and Louisiana 
whose Capacity is estimated at 250 million barrels [Ref. 1]. 

The continuing wars in Iran and Afghanistan are doing 
more than threatening world peace. The implied uncertainty 
over the future flow of oil supplies from the Persian Gulf 
has touched off a renewed interest in offshore oil explora- 
tion and oil stockpiling throughout the world. In addition, 
some 24 million acres of Federal lands off the California 
coast from the Oregon border to Mexico have been opened to 
oil and gas exploration by the Bureau of Land Management. 
The United States Geological Survey estimates that the total 
offshore coastal area contains undiscovered resources totaling 
Meet! lion to 10.9 billion barrels of oil and 5.4 trillion 
Boml> trillion cubic feet of gas. 

According to the President's Commission on Coal, the 
price of a barrel of oil from the OPEC countries has risen 
From 33.47 per barrei in 1973 to $14.55 a barrel in January 


1980. Because of this rapid increase in price, there is a 
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rapidly expanding demand for a petroleum substitute that is 
both affordable and plentiful. Coal fills both requirements, 
meeording to a recent World Coal Study directed by Carroll 

L. Wilson of the Massachusetts Institute of Technology. It 

is estimated that the World's technically and economically 
recoverable coal reserves would last about 250 years at the 
1977 rate of production--2.5 billion tons. The President's 
Commission on Coal further stated that the United States is 
the “Saudi Arabia of Coal." Coal is the world's most abun- 
dant fuel, and more than one quarter of it lies under American 
soil. More than 1.7 trillion tons have been mapped by the 
United States Geological Survey, which estimates a similar 
quantity has yet to be discovered. With recoverable reserves 
of 440 billion tons, America has a supply that could last 

more than 100 years, even with stepped up production rates. 
Economists predict that because coal costs just over one- 
fourth the price of oil in equivalent energy, many nation's 
demand for coal could rise 500 percent over the next decade. 
The demand for coal will increase dramatically because it makes 
good economic sense to use it. The World Coal Study concluded 
that coal will have to supply between half to two-thirds of 
the world's energy needs by the year 2000, compared to 25 
percent now. That increase can take place if the United 
States becomes part of greatly expanded international coal 


meacding [Ref. 10}. 
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For each of the known sources of energy, there is a draw- 
back. Petroleum is limited, and the cost is high and will 
continue to escalate exponentially. Nuclear energy 1s enor- 
mously expensive and is fraught with political opposition, 
based on fears for safety in the wake of Three Mile Island 
and other episodes. Coal is available and abundant, but 
burning certain types of it causes environmental problems 
and may be producing the greenhouse effect that scientists 
fear will alter the temperature of the globe and might ulti- 
mately melt the polar ice caps, causing widespread flooding 
of coastal areas. 

According to George Marienthal, Deputy Assistant Secretary 
of Defense for Energy, Environment and Safety, "Solar energy 
is not yet cost effective in most areas, except for hot water 
heating and a handful of experimental projects sponsored by 
the United States Government and large utility companies. 
Purther, retro-fit projects on existing buildings require a 
SUpsctantial capital outlay. ...Fusion, which has great 
promise for a non-polluting, renewable source, is several 
decades away from commercial use, in the judgement of most 
knowledgeable people. In addition to technical development 
issues, the fusion process alsc demands prodigious amounts of 
Capital. Hydro-electric power can still be developed in some 
areas of the country but for each river to be dammed, we lose 
some irreplaceable scenic area, and environmentalists are 
strongly opposed to further dam building. Wind power has 
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advocates in certain areas where wind bliows steadily, but it 
cannot be widely used, since in most areas, wind is too 
Sporadic to justify tne investment" [Ref. 5]. 

Aiternative energy sources such as; nuclear fission, 
nuclear fusion, and active solar space heating are enormously 
expensive, hydro-electric power and wind power have limited 
Peecntial, and a major shift to ccal as a primary energy 
source is presently under way. These alternative energy 
sources when fully developed, will provide energy reserves 
from which the Department of Defense will be able to draw. 
Until this occurs, additional energy sources capable of 
reducing current energy consumption must be employed. One 
of the proposals to help resolve the problem of reducing 
energy consumption for the Department of Defense is to use 
passive solar space-heating techniques in family housing 
units throughout the continental United States. The subse- 
quent chapters in this thesis will explore the extent to 
which this proposal can help reduce the energy consumption of 


the Department of Defense. 
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III. PRINCIPLES OF PASSIVE SOLAR DESIGN 


Chapter III will present the principles of heat movement 
as they apply to passive solar space-heating designs. The 
essential elements that make up a passive design will be 
discussed as well as the concepts of direct gain, indirect 
gain, and isolated gain. These concepts and elements will be 
looked at in terms of their relationship between the sun, 
heat storage, and the living space. 

The principles of passive solar design are not new. The 
early Greeks and Romans used them to heat their villas and 
public baths. The Indians of the American Southwest used 
them in locating and building their pueblos. The New England 
farmhouse and the Victorian houses of the 19th century all 
used the principles of passive solar design. In fact, current 
passive solar design is merely a new approach, using modern 
construction materials and technigues, to an old basic tech- 


memogy {Ref. ll, 13]. 


A. HEAT TRANSFER CONSIDERATIONS 

Passive solar heating systems require no mechanical 
devices or secondary energy sources in order to operate 
[Ref. 2]. To appreciate how passive designs function, ie 1s 
important to understand the principles of the movement of 


heat. 
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Medemeravels tnree baste ways; through radiation, conduc- 
tion and convection. 

Radiation transmits heat through electromagnetic waves 
that travel from a warmer object to a cooler one without 
heating the space in between. The prime example of radiative 
heat movement is the sun, a warm object which radiates its 
heat to the cooler earth. In home space conditioning, radi- 
ation begins or ends with the outer skin of the building; 
conduction carries tne heat through the walls and ceiling. 

Conduction occurs when heat moves through a solid 
material by passing from molecule to molecule. A home loses 
warmth in the winter by conducting the heat through its walls 
and roof to the outside. During the summer, the process is 
reversed when heat from the outside moves in through the 
walls and ceiling to raise the interior temperature of the 
house. Insulation added between the walls and ceiling spaces 
Slows the conduction process. 

Convection takes place through the movement of air or 
liguid. Convection is an important means of distributing 
collected heat in the house. An attached solar greenhouse 
system, for example, uses the natural air currents created 
by the heating and cooling of air to deliver warm air into 
living spaces while drawing unwanted cold air out. 

successful passive solar design depends on controlling 
the natural tendencies of heat and using them to the best 
advantage [Ref. 7]. The principles are the same for cap- 


turing heat and maintaining its warmth in the winter, or 
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memecting Neat to maintain Coolness during the summer. These 
characteristics of heat explain why such simple techniques 

as adding double-glazed windows, insulating, shading glass, 
or incorporating thermal mass can make such a big difference 
in keeping a home at a comfortable temperature. 

A building designed to work with nature will be warmer 
in the winter, and cooler than the outside temperature in the 
summer, without using additional energy or equipment for space 
conditioning. This is passive design. It works by putting 
the natural heating properties and cooling potential of the 
sun to work, and using the structure itself to perform solar 
Sepemection, storage and distribution [Ref. 11]. 

There are three essential features of true pasSive 
design: 

1. Large areas of south facing glass to let in warmth 
of the winter sun. 

2. A solid, massive element such as a concrete floor or 
Wall in line with the windows to absorb the heat and radiate 
it back into the building when needed. 

3. Shading on the east, west, and south windows to 
help keep the building cool in summer. 

The first step in passive solar design is to face the 
building due south. The next is to add a large overhang on 
the south to shade the windows from the summer sun. Since 
the sun is higher in the sky in summer, a properly constructed 


overhang still allows the lower rays of the winter sun into 
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the building when their heat is needed most. Deciduous shade 
trees planted on the south side of the building also provide 
shade during summer and let sunlight through during winter 
after they lose their leaves [Ref. 2]. The solid, massive 
features to hold the sun's warmth may be a concrete slab 
floor, a water-filled tank, a wall of concrete or masonry, a 
stand of tall metal tubes or barrels filled with water. 
The mass may be part of the southern wall of the building or 
included in a south-facing greenhouse addition. During the 
day, the sunlight must shine directly on the mass, so it 
absorbs enough heat to warm the building at night. [It is 
important to insulate the windows at night by closing 
curtains or shutters, to insure that the heat stays in the 
building and does not flow back outside. The process can 
be reversed during summer, to help keep the building cool. 
If the building is open during the night, the mass will 
release the heat absorbed from the structure during the day 
to the cool night air by radiation. Blinds and shades keep 
out the heat of the day, and the lower temperatures of the 
mass will help maintain a comfortable range inside [Ref.1l]. 
In buildings designed to work with nature, the heat moves 
by itself, without the use of pumps and fans. People who 
live in homes heated by a passive solar system feel more 
comfortable at lower temperatures in winter, because the 


structure itself has warmth, not just the air within it. 
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Properly done, passive solar design can meet 50-60 percent of 
@ building's heating needs. In some cases, as in the double- 
shell house, that percentage may rise to over 90 percent 


Beet. 12). 


B. ELEMENTS OF PASSIVE SOLAR DESIGN 

The first element of a solar heating system is the collec- 
tor. Sunlight falls on the collector and heats it. The 
heated collector in turn raises the temperature of the trans- 
fer medium inside it, either a liquid or a gas, which carries 
the heat to storage. Storage, the second element of solar 
heating, is where the heat is held for later use at night or 
on cloudy days. The distribution system is the third element, 
it delivers the heat to where it is neded. 

In an active solar heating system, these functional ele- 
ments are separate pieces of equipment that are physically 
removed from the living space. In passive solar design, 
glass windows and doors collect the sun's heat; thermal mass 
stores the heat; and the natural laws of heat movement dis- 
tribute the heat. A modern passive home must be designed to 
work with its surroundings to provide comfortable tempera- 
tures year round. Although the principles of passive design 
are simple and can be executed with common building materials 
and construction skills, passive solar systems must be care- 


fully designed. 


41 





Passive space conditioning techniques are perhaps the 
most cost effective way to realize the full potential of 
Solar energy [Ref. 13]. Many of the materials required for 
a passive building are the same as for a conventional struc- 
ture. The additional costs of a passive home are less than 
they would be if an active solar system had been incorporated 
into a similar design. Any added costs of a passive struc- 
ture can usually be offset by lower operating costs or less 


complex backup equipment. 


C. CONCEPTS OF PASSIVE SOLAR DESIGN 

In order to establish a framework for understanding passive 
Systems, three concepts need to be defined: direct gain, 
indirect gain and isolated gain. Each explains the relation- 
ship between the sun, heat storage and living space. Within 
each of these categories, it 1s possible to identify various 
systems. 

The first and simplest approach to passive solar heating 
1s the concept of direct gain [Ref. 2]. Simply defined, the 
actual living space is directly heated by sunlight. Sun- 
light passing through the large expanse of south facing 
glass heats the air, whicn in turn heats the walls, floors, 
and strategically located thermal masses. Floors of tile, 
brick, concrete, and thick walls of adobe, concrete or water 
Columns, individually or in combinations, provide thermal 


storage. With the direct gain approach the space becomes a 
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live-in solar collector, heat storage and distribution system 
mere in one. At night, movable insulation is placed on the 
windows to retain the heat collected during the day. In 
summer, the process is reversed and heat is allowed to escape 
through open windows and vents. 

Another approach to passive solar heating is the concept 
of indirect gain, where sunlight first strikes a thermal 
mass which is located between the sun and the space. The 
sunlight absorbed by the mass is converted to thermal energy 
and then transferred into the living space. The thermal wall 
memes by absorbing sunlight on its outer face and then trans- 
merring this heat through the wall by conduction. Heat con- 
ducted through the wall is then distributed to the space by 
radiation and to some degree by convection. 

An attached greenhouse is essentially a combination of 
direct and indirect gain systems. Constructed on the south 
Side of a building with a mass wall separating the greenhouse 
from the building, a solar greenhouse can create an attractive 
border between the living space and the outdoors. The green- 
house also establishes a thermal buffer zone which can sub- 
stantially reduce heat losses by reducing air infiltration 
into the building. Since it is directly heated by sunlight, 
the greenhouse functions as a direct gain system. However, 
the space adjacent to it receives its heat from the mass wall. 


Sunlight shines through the greenhouse windows and heats the 


43 





thermal mass inside. This mass can be water in barrels or 
tanks, masonry walls, rocks, concrete or other massive 
materials. Warm air collected in the greenhouse is trans- 
ferred to the house by openings located on the shared wall 
of the greenhouse and the main house. 

Peeenird approach to passive solar heating is the concept 
O6f isolated gain. [In principle, solar collection and thermal 
storage are isolated from the living spaces. This relation- 
ship allows the system to function independently of the 
building, with heat drawn from the system only when needed. 
A common application of this concept is the natural convec- 
tive loop which is found in the double-shell house. 

Chapter III presented the principles of heat movement, 
radiation, convection, and conduction, as tiiey apply to 
passive solar designs. The concepts of direct gain, indirect 
gain, and isolated gain were presented as well as examples 
of each. 

In chapter IV the concepts and elements of passive solar 
Space heating are applied to Government family housing units 
within the continental United States. Five passive heating 
alternatives will be used to determine the potential savings 
in conventional heating fuel and dollars to the Department 


of Defense. 
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IV. ANALYSIS OF POTENTIAL SAVINGS 


Chapter IV applies the elements and concepts of passive 
solar space heating to five passive design alternatives to 
government family housing units within the ccentinental United 
States. ‘This will be done to determine the potential svaings 
in conventional heating fuels and dollars to the Department 
of Defense over a 25-year economical life of family housing 
Mmats. Total life cycle costs, as well as life cycle fuel 
cost comparisons will be used to indicate the relative savings 


to the Department of Defense. 


A. METHOD OF ANALYSIS 

An inventory of family housing units within the continen- 
tal United States was performed to determine the number of 
units located within each of the states. These figures are 
shown in Figure 4-1. From the inventory data that was 
obtained, a hypothetical family housing was formulated which 
reflected the median characteristics of all family housing 
units located within the continental United States. Design 
Characteristics of a family housing unit and design assump- 
tions used in the analysis are provided in Appendix A. 

The United States was then segmented into five climate 
zones whose boundaries are shown in Figure 4-2. These zones 
were selected along average solar radiation intensity lines. 


Several cities were selected in each zone whose climatic 
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TABLE 4-1 Total number of family housing units 
by climate zone 


Percentage of 


zone Number of Units Total Units 
iL Lis, 520 AB 27 
2 Ome, 26.80 
2 48,927 18.64 
4 24,621 9237 
5 Sos o iD 2 
TOtad ZO2 SO 100 


47 








conditions were typical of that zone. The solar and clima- 
tological data was then obtained for each of the cities. 


Climatological data is presented in Appendix B. 


B. SOLAR POTENTIAL DETERMINATION 

Because actual measured space-heating load data for 
family housing units was not available, the heat loss and 
heat gain requirements were manually computed for the theo- 
retical family hcusing unit as well as for the five passive 
design alternatives. The pertinent data required tor the 


calculations were: 


f4 


Monthly heating degree days 

Incident solar radiation per month 

Average wind velocity 

Exterior walls, roof and floor composition and area 
Window and glass area 

Number of doors and windows 

Underground floor composition 

Interior design temperature 
Infiltration/ventilation rate. 


19 CO ~~) U1 & GW NO 
e 


Sample heat gain/heat loss calculations are provided in 
mependix C., 

Five passive design alternatives were formulated incorpor- 
ating the principles and elements of passive solar space- 
heating. The analysis consisted of examining each of the 
five design alternatives in each of the five climate zones at 
an interior design temperature of 65°F to determine the amount 
of heat loss and the amount of heat gain available. Life 
cycle costs were calculated to reflect fuel cost savings and 
additionally for break-even points for the various alterna- 


tives. Life cycle cost data is provided in Table 4-3. 
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©. ALTERNATIVES 
1. Alternative no. 1 - do nothing 
This alternative reflected the current heating state 
of a representative three-bedrocm single-family unit in 
government family housing located in each of the five climate 
zones throughout the continental United States. Alternative 
no. 1 was used as the comparative control alternative for 
each of the other four alternatives. 
2. Alternative no. 2 - southern exposure 
This alternative examined the same structure used in 
alternative no. 1 but oriented it toward maximum southern 
exposure. 
3. Alternative no. 3 - direct gain system 
The direct gain system is the simplest approach to 
passive solar heating, the actual living space is directly 
heated by sunlight. To do this, it must contain a method of 
absorbing and storing enough daylight heat to release at 
night, thereby maintaining a reasonable temperature variation. 
The method used in passive solar design to accomplish this 
goal is to provide a sufficient expanse of south facing 
glass and enough thermal mass, strategically located in the 
living space, to absorb and store the available solar energy. 
In alternative 3, the area of south facing glass was increased 


by 50% over alternative no. 2. 
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4. Alternative no. 4 - super insulation 
This alternative looked at the same representative 

house that was examined in alternative no. 2, but with the 
thickness of the insulation in the roof and walls increased 
to a value of R-43, and with triple glazed windows. In addi- 
tion, overall infiltration amounts were reduced by 50 percent. 

5. Alternative no. 5 - double-shell house (Figure 4-3) 

This alternative looked at the newest of the passive 

heating techniques, the double-shell house. The double- 
shell house is basically a house within a house. The living 
Space or inner house is surrounded on four of its six sides 
(north and south walls, roof and floor) by an airspace. The 
airspace is, in turn, enclosed by an outer shell consisting 
of a roof, north and south walls, and exposed earth under- 
neath the floor. The east and west walls are single walls 
that span both the inner living area and the airspace [Ref. 
16]. The south wall, which is glazed at approximately 50 
percent of its surface area, is substantially set off from 
the inner wall to form a greenhouse space on the entire 
southern exposure of the house. The house heats itself by 
means of a convective loop which circles in the airspace 
between the two shells. Air heated by the sun in the green- 
house space rises over the inner house and down between the 
two north walls and under the house, where it heats up a 


thermal mass to be used for nighttime heating. Examples of 
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passive space-heating design alternatives are shown in 


Figure 4-4. 


D. CRITERIA FOR DETERMINING DESIGN ALTERNATIVE EFFECTIVENESS 
The criteria that was used for this analysis was to f1x 
the effectiveness of the model by fixing the interior tempera- 
ture at 65°F. This was done for each of the alternatives in 
order to determine the amount of auxillary space heating 
required. This resulted in the lowest possible space-heating 
cost for each alternative. In order to determine the most 
effective alternative that would meet the established criteria, 


an effectiveness model was formulated. 


ear FECTIVENESS MODEL 

The effectiveness model that was formulated is as follows: 
Effectiveness, which was measured by the amount of auxillary 
conventional heat required, was equal to the total heat loss 
of the house, minus the total solar heat gain of the house. 
To enhance the workability of the model it was necessary to 
expand it as follows: heat gain was determined to be a func- 
tion of (1) the sun's azimuth and altitude, (2) the building 
Site orientation (the degree of southern exposure), (3) the 
Square footage of exterior wall exposure, and (4) the square 
footage and tilt angle of glass with southern exposure. Heat 
loss was determined to be a function of: (1) the square 


footage of walls, floors and ceilings; (2) the overall 
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coefficient of heat transmission of the walls, floors and 
ceilings; (3) the difference in temperature (AT) between the 
outside air temperature and the inside design air temperature; 


m4) the wind velocity; and (5) the amount of air infiltration. 


meee COoL MODEL 

The intent of the basic cost model that was used in the 
analysis was to determine the long range cost savings of the 
various passive solar space~heating alternatives as opposed 
to the costs experienced without solar heating. The factors 
that were included in the basic cost model were: (1) the cost 
per square foot of each of the alternatives; (2) the design 
and development costs, normally assumed to be 6 percent of 
Baewconstruction costs, coupled with the construction, super- 
vision, inspection and overhead costs (S.I.0.H.) which norm- 
ally averages 3.5 percent of the overall construction costs, 
giving a total R&D percentage figure of 9.5 percent, and 
G) fere cycle costs. 

The life cycle costs were broken down into capital 
investment required, and operating and support costs, which 
included a 1-1/2 percent maintenance cost over a 25-year 
period of time. 

For the purpose of this analysis, life cycle costs were 
defined as the sum of; operating and support costs, and capi- 
eareeinvestment costs. In computing the life cycle costs, 


the present values of fuel and maintenance costs were added 
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to the total initial investment costs for each alternative. 


The following formulas were used to determine life cycle 


costs: 
FUEL: Pa Oualsetiscage\/ Cost per Fader Die ew. 
- {in 106 pru'ts/\10© Btu's/ ({Escalation}){ Discount 
Rate Rate 
Annual Annual BeOe Db. 
Bee NANCE: Maint. inflation) (oiscoune) 
Costs Rate Rate 
fmexeD COSTS: Tape) ad. 
Investment] + (R&D) 
Costs 
Annual Life Cycle Costs: 
Operating and Support Capital Investment 
Costs Required 
a eee 
Fuel Maint. 
Boots 4s Bee a Fixed Costs 


The factors indicated above were then calculated for each of 
the alternatives in each of the climate zones, to determine the 
break-even points for each of the alternatives. Thelife cycle 
cost graphs include a fuel inflation rate of 14 percent and 
assume the present Department of Defense discount rate of 

10 percent. The graphs do not include any cost reductions 

from “tax rebates or incentives" that normally would be inclu- 
ded in private sector analysis, as these were considered 


inappropriate to federal construction. 
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For the life cycle fuel cost graphs, the basic cost model 
was revised to include only the fuel portion of the operating 
Gosts, reflecting the total number of units within a climate 
zone. This was done for several reasons; first, the original 
purpose of the analysis was to indicate the amount of heat 
possible from various passive solar space-heating alternatives, 
not to determine the total cost of a complete heating system 
for the design house in each of the climate zones. Second, 
the R&D costs, investment costs and the maintenance costs were 
fixed costs as they did not vary from one climate zone to 


another, therefore they were not included. 


G. EVALUATION 

Table 4-2 shows the calculation summary of heat loss and 
heat gain computations as well as the percentages of the 
total space heat available, using pasSive solar alternatives. 

Figures 4-5 through 4-9 graphically show the total life 
cycle costs and break-even points in years, for each of the 
alternatives presented, in each of the five climate zones 
within the continental United States. 

Figures 4-10 through 4-14 graphically show the summary 
life cycle fuel cost comparisons for a single unit during the 
month of January in each of the five climate zones. 

Figures 4-15 through 4-18 graphically show the heating 
potential amounts of passive solar space heating available 


for the month of January for each of the five climate zones, 
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TABLE 4-2 CALCULATION SUMMARY OF HEAT LOSS AND HEAT GAIN 
Computations by Climate Zone in Btu's/day 
Auxillary Percentage 
space of total heat 
Total heat Total heat heating available 

Alternative loss loss required from the sun 
Climate zone no. lL 

il eo 534 0 25lyeo 34 0 

2 Pe 534 139,490 117,866 60.2 

ge 187.488 225-7000 (Bea } 120 

4 TM ey 39, 139,400 (677 20) 194 

5 93,408 299,200 (20S 92) 320 
Climate zone no. 2 

nf 429,992 0 429,992 0 

2 429,992 362416 29157 6 eee 

3 343,192 Dee 200 94,992 ed, 

4 ies, 120 boa 46 (5,296) 104 

5 iS 47 2 297,088 (312736 6) Pek 
Climate zone SB 

i 5957373 0 595073 0 

2 395,373 134316 461,057 2216 

3 23.2 , jet 2 2457/00 2564 ee oi 

4 184,320 hea. 36 50,004 7229 

5 240,192 Zoo N2oc (40,096) 120 
Clamate zone no. 4 

la 678,064 0 678,064 0 

2 678,064 126,608 Soa 50 eB 

3 549,072 Zoe O10 Sy a 2 Ae 

4 209,920 126,608 Bis SrleZ 60.3 

5 2S, Sis 2 aoe 1,808 99.4 
Climate zone no. 5 

it 909,598 0 909,598 0 

2 909,598 114,308 795,290 E226 

3 feb 560 209,100 Bz? ; 460 28.4 

4 Zo 600 ieee Oc Ge 29 2 40.6 

5 S67, 752 245,344 2274093 6627 
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TABLE 4-4 SUMMARY OF INDIVIDUAL UNIT LIFE CYCLE FUEL COST 
COMPARISONS FOR THE MONTH OF JANUARY - IN DOLLARS 
Without Solar With Solar Solar Savings 

zone no. 1 (Figure 4-9) 

Alternative .l 5,950 Dro 0 0 
aud DSO 3,029 Zao cell 
eS 4,818 0 4,818 
4 Oa 0 is a2 
pe} 2,400 0 2,400 

Zone no. 2 (Figure 4-10) 

Plternative .l ee O50 0 
oo ILL. si8 aS So 
A 8,948 2,441 6,507 
4 Sree) 0 3,421 
os 4,458 0 4,458 

Zone no. 3 (Figure 4-11) 

Alternative .l eS ee OL eo) 0 
ee 15308 11,849 3 Sk 
3 12,390 6,075 ake 
4 A,is! Loe 3,451 
eS Sele OQ Gly 2 

Zone no. 4 (Figure 4-12) 

Alternative .l 17,426 17,426 0 
au 17,426 aL 2 Beco 
3 14,111 87 59 5 Jae 
~4 5,394 2,141 3 Soe 
ao e705 0 46 6,983 

Meme no. 5 (Figure 4-13) 

Alternative .l 2377 G 26 0 
io 28316 207438 2. 
5 18,929 ero5 5 SoS 
4 ToS 4,299 2,937 
2 eee |) 3,145 6 305 


The figures in table 4-4 represent the present values 
(in dollars) of the 25-year fuel costs for each of the 
alternatives with and without solar space~-heating tech- 
miques. The figures are based on heat loss/heat gain 
computations. 


Ncte: 
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TABLE 4-5 SUMMARY OF TOTAL SPACE-HEATING REQUIREMENTS FOR 
THE MONTH OF JANUARY IN BARRELS OF OIL EQUIVALENT 


mlternative no. l 


& Conventional Available 
Alternative no. 2 heat solar 
(Figure 4-15) required 

Zone no. lL 140,632 84,660 
Zone no. 2 Rodeo weZ 52,039 
mone no. 3 P5570 5>5 Boros 
Zone no. 4 89,226 Loos 5 
Zone no. 5 24,495 37080 
Alternative no. 3 (Figure 4-16) 

Zone no. l 1137834 136,600 
Mone no. 2 PS 0 so0 957150 
Zone no. 3 1262075 64,298 
zone no. 4 122295 30,492 
Zone no. 5 19 33 5,634 
Alternative no. 4 (Figure 4-17) 

Zone no. lL Be 510 84,409 
Zone no. 2 50,040 527041 
Zone no. 3 48,200 S556 
Zone no. 4 27625 [665s 
Zone no. 5 (SoS ao 
Alternative no. 5 (Figure 4-1 8) 

Zone no. Ll 56,698 Teh ye 33 
Bone no. 2 62,086 LOG Ov 
mene no. 3 62,810 750.5 2 
Zone no. 4 36,000 Boa) oe 
Zone no. 5 9,903 6,605 


Note: The figures presented in Table 4-5 indicate the calcu- 
lated amounts of conventional heat required (in barrels 
of o1l1 equivalent) for the total number of family 
housing units in each climate zone. These figures 
are compared to the potential amounts of passive space- 
heating available. These figures correspond to the 
percentages of total space heat available from the 
sun - Table 4.2. 
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by alternative, in barrels of oil equivalent. These graphs 
reflect the amounts of space heat required for the total 
number of family housing units located within a particular 
climate zone at an interior design temperature of 65°F. 
These graphs also reflect the potential amounts of energy 


available from passive solar alternatives. 


fo RESULTS 


The analysis was run at an interior temperature of 65°F, 
the temperature used as a basis for determining solar degree 
days [Ref. 2]. The analysis showed that for alternative no. 
2, orienting the house to a southern exposure, the design 
house was able to acquire as much as 60.2 percent of the 
Btu's it reguired to maintain its design temperature in 
climate zone no. 1 and 12.6 percent in zone no. 5. Further, 
alternative no. 2 realized an average 25-year life cycle fuel 
cost savings, for all five climate zones of $3224.27 with a 
high of $3557.29 in zone no. 2 and a low of $2921.27 in zone 
mo. le. 

For alternative no. 3, which increased the amount of 
southern exposed glass by 50 percent, it was found that as 
much as 120 percent of the BTU's required to heat the house 
could be supplied in zone no. 1 and 28.4 percent in zone no. 
9. Alternative no. 3 also had the highest average life cycle 


Fuel cost savings with an amount of $5793.23. 
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When the insulation values of the design house were 
increased, as in alternative no. 4, the analysis showed that 
the total heat loss of the unit was substantially lowered. 
But because the square footage of southern exposed glass was 
kept the same as in alternative no. 2, the heat gain was 
Minimal. Still, the analysis showed that 194 percent of the 
energy required to heat the house could be supplied in zone 
no. 1 and 40.6 percent in zone no. 5. In addition, because 
the heat gain was kept at a minimum, the life cycle fuel cost 
Savings were the lowest at an average of $2981.36. 

Alternative no. 5 showed the greatest amount of excess 
Btu's absorbed, over 200,000 or 320 percent in zone no. lL 
and 59.2 percent in zone no. 5. This double wall technique 
Shows great promise, not only for its ability to absorb large 
quantities of excess Btu's but because of its average life 
cycle fuel cost savings of $5264.18. 

The life cycle costs that were calculated, indicated 
that alternative no. 1 - do nothing, was the most expensive 
in all five climate zones, exceeding $100,000 dollars in 
climate zone no. 5 at the fifteen-year point. By comparison, 
alternative no. 5 - the double-shell house, was the least 
expensive in four out of five climate zones. The life cycle 
cost graphs, Figures 4-5 through 4-9, indicated that the 
magnitude of the 25-year life cycle costs were directly 


related to the passive solar space-heating potential of the 
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design alternative. The greater the amount of absorbed solar 
energy, the lower the life cycle costs. The graphs also 
indicate that the break-even points of passive solar design 


alternatives average in the range of 10 to 15 years. 


Mme oGNSITIVITY ANALYSIS 

In conducting the analysis a number of factors were Kept 
constant for ease of calculations. The first of these fac- 
tors was the orientation of the design house. All of the 
alternatives, with the exception of alternative no. 1, faced 
due south to maximize heat gain. It was noted that by rota- 
ting the house a number of degrees away from due south, a 
substantial amount of solar heat gain would be lost. Closely 
related to the orientation angle, is the altitude angle of 
the sun. In this analysis the representative cities chosen 
all used altitude angles corresponding to the climate zone in 
which they were located. It was noted, however, that an 
increase or decrease in the latitude would have a corresponding 
decrease or increase in the altitude angle, thereby varying the 
amount of available solar heat. 

The second factor that was kept constant was the tilt 
angle of the glass, for the analysis all glass was assumed to 
be vertical. Appendix F is provided to show how the tilt 
angle of the surface would affect the amount of solar energy 
intercepted. By superimposing a specific surface angle from 


Appendix F on the solar heat gain charts, Appendix D, it is 
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possible to determine the total amount of solar energy avai l= 
able from a surface at any angle, time or date for the solar 
heat gain charts provided. For those individuals who require 
a more accurate method, sun location formulas are provided 

in Appendix E. 

Another factor that was kept constant throughout the 
analysis was wind velocity. Wind velocity is normally 
considered to be 15 mph for all conditions and any velocity 
below this figure is not considered. However, as the wind 
velocity exceeds 15 mph, the total calculated heat loss must 
be increased. Wind velocity factors are provided in Appendix 
G. 

Because the analysis was conducted for a finite period 
of time, weather was not included as one of the varying 
factors, other than to determine the maximum and minimum out- 
Side air temperatures. If the analysis were to be substanti- 
ally expanded, the probability of adverse weather would 
become an important factor. However, the month of January 
was chosen for this analysis as it had the most severe heating 
requirements in all of the climate zones indicated. 

All of the above factors had their greatest effect or 
potential effect, when included in the effectiveness model. 
However, aS indicated earlier, the factor that affected the 
cost model the most was the rising price of fossil fuels. 
Appendix I is provided to show various projected gas fuel 


prices as they relate to life cycle costs. 
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V. THE ADVANTAGES AND DISADVANTAGES OF SOLAR 
ENERGY TO THE DEPARTMENT OF DEFENSE 

As a result of the 1973 oil embargo and the subsequent 
increases in the cost of petroleum, solar energy has emerged 
as one of the proposals to help reduce the energy consump- 
tion of the Department of Defense. Solar energy has specific 
advantages and disadvantages as an alternative energy source 
for the Department of Defense. Pertinent advantages are 


presented and brietly discussed. 


A. ADVANTAGES 
1. Continuously renewable source 

Solar energy (radiation), due to its origin, is virtu- 
ally inexhaustible and with almost unlimited availability. 
"The energy output of the sun requires the burning or con- 
version of mass into energy at a rate of 4.2 million tons per 
second. Assuming that the sun has been in the hydrogen 
burning stage for 6 billion years, this seems at first glance 
like a great loss. A closer look shows the total mass 


of the sun to be approximately 2.2 X ioe tons, so that the 


sun loses only 2.0 X omen: percent of its mass each second. 
At this rate, the sun can be expected to continue radiating 
energv for biilions of years to come" [Ref. 2]. 

Because of its unlimited availability, it requires 
no depletion allowance to encourage exploration. In addi- 


tion, it cannot be controlled and embargoed by a few oil pro- 


ducing nations. 
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2. Relatively low cost 

Solar energy is free, except for the initial capital 
Best of intercepting it and converting it to a usable form. 
However, this initial capital investment cost is one of the 
primary reasons why solar energy is not cost effective ona 
broad scale with conventional heating systems. Construction 
costs are often quite substantial. However, a major cost 
advantage is that once a solar energy system 1S constructed, 
the sun's energy from that point on is "free" and has virtu- 
aily no inflationary effect, except perhaps, those costs 
associated with maintenance and repair. "Although cheap and 
convenient fossil fuels have made solar heating unattractive 
to much of the world, there are hidden costs associated with 
the use of conventional fuels such as the costs to future 
generations who will bear the consequences of our excessive 
use of natural resources, and environmental damage" [Ref. 18]. 

3. Cost effective source 

Fossil fuels are extremely costly now and will 
continue to escalate in prices as finite supplies diminish. 
This means solar energy systems both active and passive are 
cost effective in many situations now. This trend should 
continue in the foreseeable future. Solar energy systems 
constructed or installed today have a life expectancy of 
approximately 20 to 25 years [Ref. 2]. The life cycle cost 
figures associated with these solar energy systems reflect 


substantial cost savings over conventional heating systems. 
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An additional advantage often overlooked is the maintenance 
and repair costs of the system. Maintenance and repair costs 
associated with solar energy systems are small compared to 
those of petroleum fired generating systems [Ref. ll]. 
4. State of the art technology 

Solar energy has been used and developed by man for 
over 3000 years of recorded history [Ref. 13]. The technol- 
ogy the United States is using today is still in its infant 
stage of development. If this technology is allowed to con- 
tinue at its present rate, it could lead to energy self- 
Sufficiency for the United States by the middle of the 2lst 
century. There is a need for improved technology in active 
heating and cooling applications, but the technological prob- 
lems are relatively minor in nature and can be overcome. 
The technology for passive solar energy use for space 
heating is available today [Ref. 2]. 

5. Environmentally attractive 

Solar energy is quiet, clean and non-polluting. It 
does not require large generating plants or central distribu- 
tion systems. It does not require gigantic transportation 
networks or pipelines. It can be produced in small energy 
converters or collectors wherever the energy is to be used. 
Unlike oil, solar energy does not have the potential to 
blacken the beaches or rivers with spillage, or darken the 
skies or pollute the air we breath or the water we drink. 


Unlike coal, solar energy does not ravage the rural landscapes 
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with strip-mining or pollute urban atmospheres with sulfur- 
eous fumes. Unlike wood, solar energy cannot be fired by 
imgntning strikes in drought-strickened forests or by care- 
lessly tossed matches, causing the loss of thousands of 
acres of valuable timber and watershed [Ref. 19]. Unlike 
nuclear energy, solar energy does not have the potential of 
massive radiation accidents or core meltdowns, which could 
put millions of people in danger Of radioactive contaminaticn 
and possible death. 
6. Energy self-sufficiency 

Because of the diffuse and universal nature of solar 
energy, that is, it is available without regard to physical, 
political or human boundaries, its generation is not central- 
mmeemor limited to specific locations. This fact will enable 
the Department of Defense to consider locations for future 
Military installations, that would otherwise not he 
considered. 

On a macro scale, solar energy will allow settlement 
of remote areas of the earth, and would promote development 


and modernization of those regions. 


B. DISADVANTAGES 

Unfortunately, solar energy cannot be considered the 
panacea for the Nation's energy problems. In fact, there 
are major disadvantages, or drawbacks, to the use of solar 


energy systems. 
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1. Technical drawbacks 

One of the disadvantages associated with solar energy 
is that the systems are dependent upon the incidence of sun- 
light. Therefore, those locations at latitudes further from 
the eguator, or those areas frequently obscured by clouds, 
will find solar systems less efficient and necessitate larger 
systems with their associated higher costs. 

Another major disadvantage closeiy coupled with the 
incidence of suniignt, is the technical problems associated 
with heat storage. Solar systems use only a portion of the 
energy collected immediately, the rest must be stored for 
Future use when demanded by the user. The cost of storage 
is often a considerable part of the investment required. 
However, research and development in the area of solar heat 
storage facilities and materials, the use of eutectic salts asan 
example, will eventually lead researchers to develop highly 
efficient solar heat storage techniques. 

2. Economic drawbacks 

The economic disadvantages of solar energy systems 
primarily stem from the high initial investment costs that 
are required, even though the operating costs and life cycle 
costs are lower than for conventional systems. 

3. Miscellaneous drawbacks 

There are countless disadvantages and drawbacks to 
solar energy that could be presented, but one author in the 
field of solar energy summed up its disadvantages; 
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"Solar energy has the drawback ot being diffuse. 
Rather than being mined or drilled at a few scattered 
places, it falls thinly and fairly evenly across the 
globe. ... Government and industries accustomed to 
concentrated energy supplies are ill-equipped by reason 
of economic constraints or philosophical prejudices, to 
harness this gentle source of energy. These institu- 
tions are far more interested in forms of energy that 
lend themselves to centralization and control. Hence, 
the United States Government spends billions for 
nuclear power while solar energy 1s just a subject for 
study~-~a future possibility, maybe, but not for now" 
meet. 20). 
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VI. CONCLUSIONS AND RECOMMENDATIONS 


A. CONCLUSIONS 

According to a recent study by the California Energy 
Commission, by the year 1990, the United States can displace 
about 40 percent of the projected use of natural gas in 
residences, and about 10 percent of the electricity with 
solar energy systems that are known to be cost effective 
today. By the year 2000, the President's Council on Environ- 
mental Quality estimates that 25 percent of the energy in the 
United States could come from solar energy sources. That is 
meaavalent to 10 to 12 million barrels of oil aday. Over 
the next 20 years, which is a relatively short period of time 
to make such a major change, the United States can go from 
Sesentially zero to 10 to 12 million barrels of oil displaced 
by solar. This figure is more than double the United States' 
Current imports of about 6 million barrels a day. 

Although solar energy is not the panacea that scientists 
depict it, solar energy still holds enormous potential for 
alleviating the United States' future dependence on expend- 
able fossil fuels. 

The Department of Defense can make a major contribution 
to the development of solar energy by beginning to incorpor- 
ate proven passive space-heating techniques in family housing 
construction. The typical military installation is in essence 


a microcosm of the energy consuming public in that all 
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essentials of the residential, industrial, commercial and 
transportation sectors are represented. They therefore are 

in a position to act as proving grounds and provide proto- 
types for solar energy systems, in order that solar energy 
will gain the necessary visibility and large scale operational 
data required for National acceptance. Since the Department 
of Defense owns approximately 80 percent of the buildings 
controlled by the Federal Government, it is the greatest 
Single potential government user of solar systems, and as 
such, provides the largest single market potential for passive 
solar space-heating systems [Ref. 6]. 

Chapter II discussed the impending energy probiem facing 
the Department of Defense. It is concluded that if the world 
continues using energy at its present rate, that it will, 
in all probability, due to the finite quantity of the fossil 
fuel resources available, see the exhaustion of those resources 
early in the next century. The implications of the findings 

£ the Workshop on Alternative Energy Strategies are already 
being experienced by the United States, cutorfs of imported 
Oil and escalating fuel prices. In spite of the energy crisis, 
the Department of Defense must maintain its defense posture 
through continued training. To accomplish this, the Depart- 
ment of Defense must begin to develop methods of re-allocating 
fossil fuel resources from the support activities to the oper- 


ational units. One method of re-allocating these resources 
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is through the use of passive solar space-heating techniques 
faefamily housing units throughout the continental United 
eeates. 

Chapter III discussed the principles of passive design 
and presented brief definitions cf heat transfer techniques 
within a passive solar design. Essential features and ele- 
ments of passive design as well as the concepts of direct 
Mem, indirect gain, and isolated gain were presented. 

Chapter IV examined five solar space-heating alternatives 
and analyzed them for their passive solar potential in five 
climate zones within the continental United States. The 
analysis was conducted by means of a hypothetical single 
mimely Unit reflecting the median characteristics of all 
family housing units located within the continental United 
states. 

From the results that were obtained from the analysis, 
certain key conclusions can be drawn. As fuel costs continue 
to escalate at a rate faster than inflation due to their 
finite and non-renewable nature, there will be a corresponding 
dramatic increase in family housing utility costs. This 
increase in utility costs will allow passive solar space 
heating to reach break-even points, compared to conventional 
heating, at about the ten to fifteen year point. The analysis 
Showed that for several of the alternatives, the amount of 


passive solar space heating available was in excess of the 
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amounts required to maintain the desired interior design 
temperature. The analysis further demonstrated that the use 
of passive solar systems significantly reduced space-heating 
Gosts in all climate zones. The dollar savings are large, 
mounting to hundreds of thousands of dollars over the econ- 
Seucal life of the buildings. By averaging the percentages 
of passive solar space-heating potentials for each of the 
five design alternatives in each of the five climate zones, 
it can be estimated that 60 percent of the required space 
heating can be achieved by passive solar space-heating tech- 
Niques. Figure 6-1 shows the projected utility costs for 
family housing units incorporating passive space-heating 
alternatives at a replacement rate of four percent per year 
(assuming constant construction costs). 

Family housing units use approximately 3 percent of the 
total petroleum energy consumed by the Department of Defense. 
A 60 percent savings realized from passive solar space- 
heating techniques in these units would reduce the total 
annual energy and financial requirements to the Department 
of Defense by approximately 1.8 percent. In 1985, this 
figure would be approximately $104 million dollars. 

The petroleum fuel that 1s saved by utilizing passive 
solar space-heating techniques in family housing units can be 
re-allocated to the operational units, thereby extending the 


Operational life of the petroleum-powered weapons systems in 
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Bnventory. In 1978 the amount of petroleum products that 
could have been re-allocated was approximately 3 million 
barrels of oil equivalent. 

Chapter V presented pertinent advantages and disadvantages 
of solar energy to the Department of Defense. Solar energy 
was shown to be a continuously renewable source that can be 
expected to continue for billions of years to come. Itisa 
low ccst source of energy whose long term cost effectiveness 
is greater than conventional sources performing similar func- 
tions. Finally, solar energy was shown environmentally 
attractive, quiet, clean and non-polluting. Unfortunately, 
Sclar energy is not without its drawbacks. High initial costs 
and technolegical problems in the area of thermal storage are 
still to be resolved. 

It is concluded by the author that the long term advan- 
tages and pnenefits that will be realized by incorporating 
passive solar space-heating techniques in government family 
housing units, far outweigh the short term disadvantages and 


drawbacks that will be experienced. 


B. RECOMMENDATIONS 

Based on the results obtained in this study, the Depart- 
ment of Defense should: 

1. Begin to develop plans to convert the approximate 
263,000 family housing units within the continental United 


States to solar energy systems by the year 2000. 


on 





eee cee st inoe tantly iousIng Units are replaced and as 
additional units are constructed, passive energy systems 
should be incorporated into their overall design. 

3. Establish an information system for collecting, storing, 
evaluating, reporting and disseminating technical, environ- 
mental and socio-economic data on passive solar technology. 
This data will enable improvements in system design, the 
development of appropriate standards and criteria and ultimate- 
ly, the widespread use of economically competitive and environ- 
mentally acceptable passive solar energy systems. 

The transition from fossil fuels to alternative energy 
sources will take a number of decades. The question is, which 
direction to take and when do you get started? 

The energy future of the Nation will depend in part on 
making the right decisions today. This requires that available 
alternatives be fully explored, and that consideration be 
given to energy's relationship to the environment, the economy, 


housing, transportation and other National priorities. 
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APPENDIX A —- ASSUMPTIONS USED IN THE ANALYSIS 


A. Characteristics of a Family Housing Unit 
House: 1400 square feet, two story, 3 bedroom, 
2-1/2 bath, detached single family unit. 
Construction: Exterior walls - standard 2"X4" framing 
Windows - single glaze, aluminum frame 
Insulation - 6", roof only 
Floor - 4" poured concrete 
Econom aoors — wood, 1” thick 
Heating system: Space heat - gas 


Hot water heater - gas 


B. GENERAL ASSUMPTIONS 
Wind speed: 15 mph 
Period of heating analysis: 1-31 January (all zones) 
Cost of conventional gas: $3.29/MBtu 


Fuel price escalation rate: 14% 


fee cAMPLE U-FACTORS USED IN THE ANALYSIS 





item Uaraceor 
Windows: 
Single glass Ales 
Double glass 5.6 
Triple class W/1/2" airspace aes! 


oS 





Doors: 
Bxteruor wood 1” thick 
EECee tier wood 2° thick 


Me ecer rome wooa 2 thick 
(wlth Storm door) 


Insulation: 
Sprayed cellulose 


Fiberglas batt (6") 


64 
- 43 


24 


oper Lneh 


Eg 


D. CONDUCTANCES AND RESISTANCES OF BUILDING MATERIALS 


Gypsum or plaster board - 1/2" 


Cement plaster (sand aggregate) 


Air space (4" vertical) 
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APPENDIX C - HEAT LOSS/HEAT GAIN CONSIDERATIONS 


A. SOLAR HEAT GAIN 

The available radiation from the sun at a point outside 
the earth's atmosphere is approximately 429 Btu's/SF per 
hour. Of this total available energy, 35-40% of it (150 to 
170 Btu's/SF/hr) is reflected back into space. 

of the remaining energy transmitted, approximately 15% 
of it is scattered or diffused by water vapor, carbon 
dioxide and ozone. This amounts to approximately 65 Btu/s/ 
SF/hr. 

Clouds and dust are capable of scattering or reflecting 
approximately 33% of the incoming energy. This could amount 
to as much as 92 Btu's/SF/hr. 

Therefore, on a cloudy day, as much as 100% of the energy 
available will come from diffuse radiation, or the energy 
scattered by the atmosphere and redirected to the earth's 
surface. 

An equally important factor in determining available solar 
heat is the distance the energy must travel through the atmo- 
sphere. At 12 o'clock noon, the distance it travels is at a 
minimum, but as the sun moves closer to the horizon, the dis-~ 
tance the radiation must pass through lengthens, which results 
in a decreasing amount of solar radiated energy being inter- 


cepted by a structure. Finally, at sundown the radiated 
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FIGURE C-l Available solar energy 
[Source: Ref. 7] 





energy is sufficiently low to enable us to look directly at 
the sun. (See Appendix D.) 

Another important factor which must be taken into consider- 
ation is the angle at which the radiated energy strikes a 
structure's surface, the angle of incidence. If the surface 
is perpendicular to the incoming energy, it will intercept 
100 percent of the energy. As the incident angle increases, 
the amount of intercepted energy decreases until at angles 
greater than 90° only a very small percent of the radiated 
energy is intercepted. (See Appendix F.) 

Closely tied to the amount of radiated energy intercepted, 
is the amount of radiated energy that is reflected or absorbed 
by that intercepting surface due to its surface texture or 
color. The more polished the surface, the greater the amount 
of reflected energy. The darker the color, generally, the 


greater amount of energy absorbed. 


B. THEORY UNDERLYING HEAT LOSS CALCULATIONS 
The overall coefficient of heat transmission U is the 
amount of heat expressed in BTU's transmitted in one hour per 
Seauare Loot of wall, floor, roof, or ceiling for a difference 
in temperature of 1 degree F between the air on the inside 
and that on the outside of the wall, floor, roof or ceiling. 
It has been determined that heat transfer is retarded by 
the following elements comprising a wall, roof or other build- 


ing section taken in order from outside air to inside air; 


sey) 





Memene resistance Gf a filmeor ar on the outside (which is 
generally considered to be exposed to wind velocities aver- 
maria 15 miles per hour), (2) the resistance of each layer 
of building materials forming the structural section; (3) the 
resistance of each measurably enclosed air space formed with- 
in the building section; and (4) the resistance of the surface 
film of air on the inner face (which is considered to be in 
Betti air). 

The eco coefficient of heat transmission U is the 


reciprocal of the sum of the foregoing resistances. 


C. INSULATION AND HEAT FLOW TERMS 

R - This is the resistance to heat flow or the recipro- 
cal of U sometimes expressed as 1/U. Insulation 
is often labled in R values. R values are additive, 
double the thickness of insulation and the R value 
doubles. 

C - A unit of thermal conductance. The amount of heat 
per hour (Btuh) transmitted from surface to surface 
of one square foot of material or a combination of 
of materials for each degree F of temperature differ- 
ence between the two surfaces. 

£f - Film or surface conductance. Btuh transmitted from 
one square foot of a surface to the air surrounding 
the surface for each degree F temperature difference. 
The symbols fs and fe designate inside and outside 
conductances. 
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1/£ - Film or surface resistance. The resistance to 
heat flow of an air film adjacent to a surface. 

a - Thermal conductance of an airspace. The Btuh, 
transmitted across an airsapce on one square foot 
for each degree F temperature difference. 


lfa - Air space resistance to heat flow. 
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Sample Heat Loss Calculations 
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floor Stab (4 Concrete) 


HL = Perimeter — Heat Loss Factor (F) 
edge _ 
tty = (ee 2 x 31°=—6') (1) 
HL, = 107 Btu/HR/ °F 
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PE PPENDIX 


Peers POR SDE PE RMINING SPECIFIC AZIMUTHS AND 


mela EOS 


For those who have a Special need of Knowing accurately 


mgemezinuth and Altitude for a particular date or hour not 


Geqariy Obtainable from the solar charts, the following 


formulas 
i e 
Les 


Z > 


ian 


and information are provided: 


Sm sci li Sin d + cos L cos d cos t 
SZ =ssloee COs d sec h 

cos t =-tan L tan d (when h = 0°) 

cos z = sin d sec L (when h = 0°) 

Sesewe sesim fh = Sin L sin d 


GOS mune os & 


which: 


latitude 

declination; 1.e., the angle between a line Connecting 
Piemeceheers Of Che Sum and Garth and the plane of the 
EallawOr . 

time of day expressed in degrees. Since there are 24 
hours and also 360° degrees in one revoluation of the 
earth, 1 hour = 15, Iteence = 915° and 1 secoma = 15". 
This angle is always measured from the noon position 
of the sun, therefore noon = Own 10 am = BO 4 pm = 
60°, etc. 

Azimuth 


Altitude 


Declination of the sun varies for each day of the year 


from approximately 23°27 north to oe south. 


eae 





renee declination is North, it is considered plus (+), 
then South, minus (-). The precise declination as it varies 
for each year can be found in the American National Almanac 
issued annually by the U. S. Naval Observatory, Washington 
Wreae . 

Example: The Azimuth and Altitude of the sun for 2 pm, 


May 15, at Latitude 42°N. 


ly, SERS 
d = 18°40 
t = 30° 
from 1. sin h = sin 42° sin 18°40 + cos 42° cos 18°40. 
cos 30° 
=n Omen) ti /45exK .950 xX 2.865 
=e eons 6 B27 
h = 56° 
from 2. sin z = sin 30° cos 18°40. sec 56” 


Cte sow x 1.7/9 


roe Tei 

The hour of sunrise (or sunset) and its azimuth may be 
found from equations 3 and 4. 

Local sun time may be found from equation 5. 

Sun time is the hour of day as determined by the position 
@emene sun with relation to its noon meridan. Since standard 
time (clock time) is based on the suntime at the center of 
each hourly time zone, sun time may vary as much as 1/2 hour 


from standard time depending on the locality. 
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APPENDIX G - WIND VELOCITY FACTORS 


[Ref. 2] 
Wind Velocity (mph) Factor (fw) 
O-15 nod 
20 1.04 
25 2308 
30 eee 
3.5 Jee 
40 2 0 


Total Heat Loss Adjusted for Wind - Calculated Heat 
Loss (HLt) X (Fw) 





APPENDIX H - ENERGY CONVERSION FACTORS 


(Source: 
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APPENDIX J =- DEPARTMENT OF DEFENSE 10% DISCOUNT RATE CHART 
[Source: Ref. L7] 
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